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PLAN - 75th FLOOR SS-7SN 


3IASE_II STEPS - SEE NOTF 41 * s 

STEP 

DESCRIPTION OF WORK 

© 

INSTALL FIRST HALF OF SWITCHGEAR & 8USWAY 

® 

TRANSFER LOADS FROM EXISTING SWITCHGEAR *L" BUS 


REMOVE EXISTING TRANSFER SWITCH "ATS-L - ANO INSTALL STEEL BEAM 'X" 


(SEE NOTE #2) FOR SS-75N Sc SS-75S ONLY 

® 

remove first half of exist, swttchcear 


INSTALL SECTION OF EPOXY ROOR FOR STAGE Ht ELECTRICAL EOUIPMENT 

i STAGE H 

INSTALL FIRST HALF OF SUBSTATION 

SttGE_I. STEPS - SEE NOTF *1 A, fi 

STEP 

DESCRIPTION OF WORK 

© 

INSTALL SLAB FROM CORE CORRIDOR 76th a TO SLAB ABOVE SUBSTATION 

© 

^"S^KSSSK,'"" UN " S "» "■»» ro 

© 

HOIST REPLACEMENT HVAC UNITS ACS -75-1 St ACS-7SN UP TO ROOF (76th FL) 

© 

^^^JH^^^ION Nol 76th ROOR SLAB FOR SUPPOfif " 


INSTAU REPLACEMENT HVAC UNIT ACS-75-1. 


REMOVE EXIST. UNIT FROM 75th FIOOR. 

© 

INSTALL ALL STEEL FOR ROOF SUPPORT. ( EXCEPT BEAM 'tf*) 

© 

REMOVE EXIST. SUBSTATION WALLS AS SHOWN 

© 

^^"^g^P^* 1 " 01 * No - 2 76th Fl00R M0 SUBSTATION 
"filS. POORS ETC. 

© 

SmHCE^SALLSKW^ 0011 ' WIRE EQO,PUENT OBSTRUCnNG REPLACEMENT 

© 

INSTALL REPLACEMENT HVAC UNfT ACS— 75N AND REMOVE EXIST. FAN 

© 

INSTALL SECTION OF EPOXY aOOR FOR STAGE JX ELECTRICAL EQUIPMENT 

© 


® 

l^-r Jt%^ PoBmi Poft Access t: cots, below duRino 

sta^ n it m 



© 
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PLAN - 75th FLOOR SS-75N 


PLAN - 75th FLOOR SS-75N 


STAGE m STEPS - SEF NOTE S^ A 5 

STEP 

DESCRIPTION of work 

STEP 

DESCRIPTION OF WORK 

© 

INSTALL SECOND HALF OF SWITCHGEAR & BUSWAY 

© 

INSTALL SWITCHGEAR C&f. UPS ANO 4*6-i08/libv. *RAN$P6RM£RS (i) " 
COMPLETE WITH SECONDARY BREAKER AND flllSWAY W 

© 

TRANSFER LOADS FROM EXISTING SWITCHGEAR "R" BUS 

© 

REMOVE EXlSt. 48O-208/120V. TRaWoRMErS (2) ON ROOP OF 

SUBSTATION AND UPS-TEMP 

© 

REMOVE SFCOND HALF OF EXIST, SWITCHGEAR 

© 

PATCH ALL OPENINGS IN ROORS WALLS ETC. 


(SEE NOTE #2) 

© 

REMOVE" TEMP. PLATfOftM INSTALLED IN STA# 1 AND 
CONSTRUCT SLAB EXTENSION No 3 76th ROOR 

© 

INSTALL LAST SECTION OF EPOXY aOOR 
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STAGE HI 


INSTALL SECOND HALF OF SUBSTATION 

NOTES: 



ON 75th aoofi 


on *ut aoofi 


TOWER OMF 


a. a. 'C ah9 

EMERGENCY. POWER 
TRANSF, RM 4 1ST Sc 
75TH aOORS. — 


- TOWER TWQ , 


© 


\ 


SUBSTATION 


SS-7SE""} 

f >QH 75th aOOR 


SS-75W 


CONSTRUCT SUBSTATION ROOM 


KEY PLAN 

N.T.S. 


>• - O.-EACH SUBSTATION SHALL BE INSTALLED IN 
THREE STAGES AS FOLLOWS: 

• STAGE I - CONSTRUCT SUBSTATION ROOM 

• STAGE II - INSTALL FIRST HALF OF SWITCHGEAR 

• STAGE m - INSTALL SECOND HALF OF SWTTCHCEAR 

b -cJ H ?cw9 R ^ i ^l ^fS. STEPS FOR SUBSTATION 

SS-75N. OTHER SUBSTATIONS ARE SIMILAR. 

c-FOR DETAILED STAGING SEE THE FOLLOWING: 

• OWG A-2 — ARCHITECTURAL 

• DWC S-3 - STRUCTURAL 
- OWG M-2 - MECHANICAL 

• DWC. P4S-1 - PLUMBING Ic SPRINKLER 

• DWG. E-*. E-5. Sc E-6 - ELECTRICAL 

2. - AT SUBSTATION SS-75N & SS-75S. BEAM *X" SHALL SE 
INSTALLED W TWO PARTS USING A TEMPORARY SUPPORT. 
FOR DETAIL SEE OWG. #S-3 

@ INSTALLED IN STAGE XI FORM NORTH WALL TO 
TEMPORARY SUPPORT. 

@ INSTALL W STAGE III FROM TEMPORARY SUPPORT 
RUNNING SOUTH, REMOVE TEMPORARY SUPPORT 

THE TEMPORARY SUPPORT SHALL BRIDGE SPACE BETWEEN 
NEWLY INSTALLED ANO EXIST. SWITCHGEAR TO PROVIDE A 
■VlTH FOR REMOVAL OF EXIST. SWITCHGEAR - STAGE H 
14 ANO INSTALLATION OF STAGE HT ® SWITCHGEAR 

WALL AND DOOR SHALL NOT BE INSTALLED M THIS AREA 
UNTO. THE FOLLOWING STEPS ARE COMPLETED: 
a - DOST. SWGR. IS REMOVED W STAGE H (B) 
b - REPLACEMENT B DELIVERED ANO PUT IN PLACE IN 
STAGE m © 

ALL FREE STANDfC ELECTRICAL EQUIPMENT SHALL BE 
SECURED TO THE aOOR AS Kc^OMMENCCD SY THE 
MANUFACTURER ANO AS SHOWN ON DWC. f A-34 

CRS86ING SHALL BE INSTALLED ON aOOR * IN ELEVATORS 
FOR INSTALLATION ANO REMOVAL OF TRANSFORMER^ CORE 
* COLS. (SEC DWG #A-20 THRU A-27 ft A-35) 

ASBESTOS SHALL BE ABATED PRKW TO ANY WORK DONE 
Ar.THEU»NST8UCa0il..SfTE. 


3.- 


4. - 


5,- 


Title 


TOWER ONE AND TWO 
LOW VOLTAGE 
SUBSTATIONS 
CONSTRUCTION AND 
INSTALLATION 

ELECTRICAL 

CONSTRUCTION 
STAGING 
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